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location 5 

Several kilometers southwest of Krasnaya Polyana (40°13 , ii»/43°41 1i i*), 
Krasnodar Krai, northwest of a jasiall river. For vocation see 
Ann ex o 
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2a Plant installations 8- 

a, The constniction started in itey 1947 with a small cower plant 
for construction r *ruirements on & steep slope, north of Krasnaya 
Polyana, This ama31 plant, completed in early 194f, one turbine, 
capacity 700 Xw 0 

The construction of the main power plant progressed in three 
stages 8 

^1) Reservoir with tfcm. and lock house, settling basin, canal 
and tunnel* 


{2) lock house at tunnel exit, construction of water pipes in tne 
tunnel, pipe linos and bridges for pipe lines „ 

(3J T at.er tower, lock house, turbine house, chute pipes, trans- 
former station and discharge canal* 


c. The plane, started operation on i day 1949 with two alternately 
working turbines which, according to h tfertan engineer, came f xx^ a 
power plant near Dresden* Foundations and connections for the !;.>• 
ai-allntion of two additional turbine© were completed but the tur- 
bines had not arrived* 
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do A second reservoir was under construction after tne & tinker 
of 1949 » According to German engineers, 30,000 cb^ oartr y^s to 
be ;novea a **aif oi' ufto rocuire*. excavations wae do^io ; -nu a lock— 
nouse ^30 meters Ion... *nc 14 meters hi£iij vd. tin connections to 
the chute pipes was completed, i’he reservoir will nave an almost 
round shape wiu 4 t . diameter oi* kGO to *£$0 meters. 

e* Alter four rc-.ks oi* operation tne casin. oi' the throttle 
plates broke on the b each point oi pipe lines in the lock house 
so the rater Tell 40 meters down U;e steep slope to tne turoine 
house and dar.aped one turbine which Had to be repaired and resumed 
operation only alter four to si* we ,kc. i:.o other turbine also ana 
to be re -v aired three weeks later. Thu?., full operation was resumed 
only in December ISIS* 

X" „ Soviet and (isnuan laborers stated tnat t:*e small mountain 
river was utilized by sever-* 1 a-’ditional oower plants* 

3. “ork force: 

ho details available. 

4 . Capacity* iiio 'turbine capacity of 6, GG0 hiv each was determined 
from inscriptions on the l\ o turbines,, 

5. in duly iv49 bue power plant anti two turbines with a diameter of 

4 meters* The c-xe from Droooen, according to their inscriptions, 
wnci were ins --“.lied in tne northeast section of wio turbine aouse, 
in line with foundations for Uo additional turbines. 


1 Annex: ilydro-Pow^r I'iant in Krasnaya roly ana. 
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^e- end to Annex s 

1 Small power riant with ode lur ine, capacity ?J0 kw 
a t; hiter toiler 

b hipe line 
c ^ischarpe canal 

2 Dan and ock house with tivo lock K ,at^c, re.ervoir depth 
10 meters 

3 Ganal 

4 Settling basin 

5 doncrete canal 

6 Tunnel, $00 meters long 

7 lock nouse at tunnel oxit 

8 ripe line, 3*^00 meters long, 3-2 meters in diameter 

9 Bridge for pipe line across a fountain river 
a Small tunned, 80 meterr long 

10 later tov;er, 40 meters high. luen reaching 30 meters, its 
water level was ooual with taat oi‘ tne reseivoir, The 
tower is to equalize tne water pressure 

11 Loc house 

12 *iV/o Chute pipes, 2,2 meters in diameter ,40 meters incline, 
Tot^l incline from reservoir to lock house {11 ) 70 meters and 
110 meters from reservoir to turbine house 

13 Turbine nouse vitn two turbines : nd two foundations for tur- 
bines 

14 T ans former station, with two transformers each wei failing 
40 tons. foundations for two additional oil transformers. 
Power transmission line, trellis masts supporting six copper 
cables, loads along the roac to the southwest, 

15 Jr: Camp ho 714^/13 

16 Jlet.orvoir under construction, almost ru~ud, 2UG to^5G ...e- 
ters In dlaneter 

17 Lock house, 30 meters long, 1 4 . eters iiigh 

18 Larth dam under construction 

19 Pipe line 

20 bridge for pipe line across the mountain river, miner con- 
struction 

21 T-shaped connection to tns main pipe lino, 

dii;fnAi./coKiiia/us orncias oli>y 


Approved For Release 2002/08/15 : CIA-RDP83-00415R01 0700060004-2 




4 , >*~*r 

»e 2002/08/ 

si 1 * “ 


i n«yai.s! 







